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Synchronized Circuit Improves Accuracy of Fluid Transfer Measurements 


Totalizer 



The problem: 

To improve the accuracy of measurements deter- 
mining the quantity of liquid transferred from a 
storage tank or source to a remote location. Previous 
techniques measured the liquid leaving the source 
and did not accurately account for the residual fluid 
in the transfer line. 


The solution: 

By using a shut-off valve at the destination of the 
transferred fluid, and synchronizing this valve with 
the measuring device (totalizer), the inaccuracies 
resulting from unfilled transfer lines can be reduced. 
The use of this technique requires that a circulation 
line be employed in the system in order to maintain 
the transfer line in a filled condition. 

How it's done: 

The liquid is circulated from the receiver back to the 
source by means of the circulation line to establish a 
stabilized flow and a full transfer line. When fluid is 
to be transferred to the receiver, a valve diverts the 
flow from the circulation line and, at the same time, 
sends an electrical signal back to the quantity total- 
izer. The totalizer measures the volume of fluid 
entering the transfer line to replace the fluid being 
taken out. When the predetermined quantity has been 
transferred, the quantity totalizer stops and sends 
an electrical signal that closes the valve and again 
begins circulating the fluid. 


A three-way solenoid valve is used at the receiver 
end of the transfer line. In one position it permits the 
fluid to return to the source through a circulation 
line. In the other position it permits the fluid to flow 
into the receiver. The solenoid valve and the totalizer 
operate in synchronization. 

Notes: 

1. The error in measurement occurring during valve 
opening and closing is minimized by this tech- 
nique. The totalizer begins functioning at the same 
time the valve starts to open. It stops functioning at 
the same instant that the valve begins to close. 
Since the quantity transferred during valve opening 
is approximately the same as the quantity trans- 
ferred during valve closing, the potential errors 
between actual and measured quantities are ef- 
fectively cancelled. 

2. This information is complete in itself. It is pre- 
sented here for its its potential value in the appli- 
cation or adaptation to the reader’s own needs. 

Patent status : 

No patent action is contemplated by NASA. 
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Aeronautics and Space Administration. Neither the United States 
Government nor any person acting on behalf of the United States 


Government assumes any liability resulting from the use of the 
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